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Spray-on fireproof ins work was performed by Mario & DiBono in 
Shnft* 39, AO & 41 from 2/A/71 to 7/17/71. This work was done during 
extromely cold temperature* in an Attempt to meet existing construction 
schedules. 

During a recent inspection of these shafts. It va*. ootei that 
the Cafco fireprcoflng treated vita Mark II over spray has not cured or 
hardened according ro specifications. The writer believes that this 
lstproper hardening was caused by the low temperatures daring which the 
Murk II aealer was applied. 

This inspector roconsnends that shafts 39, AO & Al be re-sprayed 
with 'lark II neoler. 



L. Ouftdagno 

Construction Inspector IV 
lfi/uJt The Vorld Trnde Center 
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